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and construction of a multiple-use sewage collection and disposal system is
impracticable, A septic tank sewerage system may be used for the disposal
of domestic waste. Plans for proposed housing developments, or any sub-
division of land intended for housing lots, shall be submitted by the prop-
erty owner to the County Health Department; or elected or appointed
Sanitary District Commission bounded by law, for approval, prior to any
sale of lots or construction in the development. Plans for individual sewage
facilities shall be submitted. by the property owner to the County Health
Department and approval received prior to any construction on the lot.
After the plans are approved, the sewage disposal facilities shall then be
built according to the rules and regulations so as to receive the approval of
the State Board of Health through a duly authorized agent or duly elected
or appointed Sanitary District Commission bounded by law.
SECTION 2. MINIMUM CONDITIONS
Septic tanks and effluent absorption fields may be used for disposal of
domestic waste PROVIDED:
(a) The ground water elevation shall be at least thirty-six inches (36)
below the surface, or not less than six inches (6) below the bottom
of the ditches within the absorption field, whichever shall be greater.
Rock formation or other impervious strata shall be at a depth greater
than six feet (6) below the surface.
(b) No part of a septic tank or absorption disposal field shall be con-
structed within fifty (50) horizontal feet of a private or public well,
or an impounded or natural body of water, including open drainage
ditches.
(c) The area of the lot, or plot of ground is of sufficient size so that no
part of the disposal system will be within five (5) feet of the build-
ing, property line, or under a building, driveway or parking area.
(d) The soil on the lot is suitable for the proper functioning of this type
of disposal system. Standard procedures to be followed in performing
percolation tests, if used to determine the suitability of the soil.
(e) The designed system is of adequate size, properly located on lot.
SECTION 3. APPLICATION, PERMIT, APPROVAL
(a) Application
Application forms for permit to construct will be furnished by the
County Health Department or a duly elected or approved Sanitary
District Commission bounded by law. The property owner shall
furnish on the application blank correct information necessary for
the determination of the feasibility of septic tank waste disposal sys-
tems, including the size of lot, layout of system on lot, driveways,
water table, type of soil, and any other information deemed necessary.
(b) Permit to Construct
A permit to construct a septic tank and absorption field will be
issued to the property owner if the lay of the land and the size of
the- lot will accommodate the proposed system and the other mini-
mum requirements as set forth in these regulations are met. The
permit holder will build or have built the septic tank and absorption


